Section 75.511 provides:

No electrical work shall be performed on low-,
medium-, or high-voltage distribution circuits or
equipment, except by a qualified person or by a
person trained to perform electrical work and to
maintain electrical equipment under the direct
supervision of a qualified person.  Disconnecting
devices shall be locked out and suitably tagged by
the persons who perform such work, except that in
cases where locking out is not possible, such de-
vices shall be opened and suitably tagged by such
persons.  Locks or tags shall be removed only by
the persons who installed them or, if such persons
are unavailable, by persons authorized by the op-
erator or his agent.

Badger's brief (p. 4) correctly notes that the language
given under the words "Condition or Practice" in Order No.
631937 alleges only that Badger had violated section 75.509 by
performing testing and trouble shooting on electrical equipment
when it was not necessary to do so.  The order also alleges
that Badger had violated section 75.511 in that the certified
electrician, Richard Lambert, who locked out the disconnecting
device in a surface substation providing power to an underground
vacuum circuit breaker, asked the chief electrician to unlock
the device and restore power for purposes of trouble shooting.
The inspectors issued a modification of Order No. 631937 on
September 24, 1980, but that modification simply added words
to the effect that Lambert was not wearing protective apparel
while he was trouble shooting the low-voltage control circuit
on a vacuum circuit breaker (Finding No. 12, supra).

Badger's brief concludes that the language in Order No.
631937 does not comply with section 107 (c) of the Act because
it does not, in the words of that section, "* * * contain a
detailed description of the conditions or practices which cause
and constitute an imminent danger."  Badger contends, there-
fore, that anyone reading.the order would believe that it does
no more than cite Badger for violations of sections 75.509 and
75.511.  At the hearing, MSHA's witnesses explained that an
imminent danger was associated with Lambert's death "* * * be-
cause there was a practice at Badger's No. 1 Mine which was a
continuing imminent danger in that the electrician who turned
off high voltage was allowing another electrician to reenergize
the equipment for purposes of trouble shooting and testing"
(Finding No. 20, supra).

Although Order No. 631937 when first written by Phillips
on September 22, 1980, specified under the words "Area or
Equipment" that "[t]he 1 Left vacuum circuit breaker serial
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